JOHNSON CONreOLS/DVfcASIY 
BATTERY f UPS8-6M 
OR APPROVED EQUAL 



WTRAPACK BATTERY RACK, |R*A5B5B-3/l -40W-240-3Z4 OR APPROVEO EQUAL 
ONE STRING OF FORTY 8ATTERSCS SHOWN; 
FOUR SUCH ASSOJ8UCS REOUWEO FOR 
A TOTAL OF ;eo BATTERIES. 


J) BUftNOY |C8» OR APPROVED 
EQUAL. OWED WTH PENETROX 
OR APPROVED EQUAL. 0HO£ 
HMSfTOR. SCRAPE PABiT FROM 
BATTERY RACK BEFORE MAKKG 
CONNCCTION. 


00 NOT KSTAU BATTERIES UNT* EVE WASH 
STATION tS WSTAUXD ANO OPERATIONAL i 


BATTERY AND RACK DETAILS 


0 1 2 3 4 
SCALE * FEET 


STEEL 



-SPRINKLER LIKE 


-SPftNXLER LHE 


„~'"]8' X 58' DUCf-^. 


TO eaSTWC REHEAT ■ 
COIS ABOVE 



IRaY support 


PANEL80AR0 


■— CABLE TRAY 
SUPPORT 
(TYP.) 


DROPOFF (TYP.)- 


UHF-S 
TX/RX 


"73 


*0 SIRA^iER 

8"-6" AFF 


I F- 3 


STEAM PIPES- 


CABLE TRAY; SEE 0ETA1S. RIGHT 


DUCT 


UrfF 
CHANNEL 
A 
R8S« 
PJfURE 


UKF 
CHANNEL 
8 
R8S7 


800 VHZ 
5 CHANNEL 
BOOSTER 
AMPLOTER 
TV/RX MODEL 
61t-8$*Stm 


UKF 

UKF 

UHF 

3 CHANNEL 


CHANNEL 

BOOSTER 

Y 

z 

AMPLTER 

R8SI0 

R8S11 

tx/rx model 


61-48-5*1*0 




DROPOFF AT 
ENO KEAR 
CROUMXNCPLATE 

RADIO EOUPMENT 


RADIO EQUIPMENT ROOM 
ELEVATION 'B-B' 


OOSTMC DUCT LOCAT10MS AND CLEWXWS A*£ SHMN 
W UCMT LMES TOR RCmOCE ONLyT^ 


0 1 2 3 4 
SCALE t^ET™ 


WOUND CABLES) 
AMD CLAMP 


STANDARD AKAMAI 
HOLO-OOW CLAW. 
TJtSl ALW-SHC OR 
^PROVED EQUAL 


L<s> 



ALUMWUU CABLE TRAY, 
UOOER TYPE. 3 7/BT X 12" 



0 AL3100B J 
lime mm • 


MWEMOLD. _ 
WITH AL3100C COVER 
OR APPROrtXt EOUALS 
ALWONUM SURFACE- 
MOUNTED RACEWAY 


3/4* CONOUtr FROM 

END OF RACEWAY 

TO PANELBOASO 'UPS' 


CM) FEED FTrrwc, 
T*B# AUt 1081 
Oft APPROVED 


r X 2" X 1/<* ANCLE PER 
STRUCTURAL DRAWS S-804. 


FOR CABLE TRAY CONNECTION AND CftOUNDHC 
SEE DETAIL ? TWS DRAMNO, 


DETAIL 1 - CABLE TRAY SUPPORT AND MOUNTING 

HXS. 


CABLE TRAY 


SUPPORT 



BURNOY #C826 (TTP.-14 
ONE TO EACH SUPPORT) 
COAT WTH PENETROX. 


DROPOFFS AT LOCATIONS 
SHOWN ON OflAXWC E-609 
(TYP) 


VIEW 'D-D' 


IREHEB 1 


H.TS. 



S^^a.: 


•J SViSO BY 


Ram Communications 
Consultants, Inc. 

10 ttwdbridg* C*«!*f &*• 

WbrtbMMTNJ 0K95 

(908) S&-6370 to (908) 836-72*0 


TKEPAfTES. 


DAT 


ISA, 120V DUPLEX RECEPTACLE 
MOUNTED TO RACEWAY WTH 
T *S* OR APPROVED 

EOUAL DEVICE UOUNTMQ BRACKET 

at uxxhohs nam o* sheet e-bos, 

WW AUJlMUU FACEPLATE. 
PASS It SEYMOUR § A-8. 
OR APPROVED EQUAL 


blank cno nrmo, 

T*f# AL31 108 : 
OR APPROVED EQUAL 


WREWOLD AU100 SERES 
OR APPROVEO EOOAL 
AUAONUM SURFACE- 
MOUNTED RACEWAY, 
10 SECTIONS. MOUNTED 
TO SOCRAJL OF TRAY 



-12'-0* CABLE TRAY SECTION LENGTH ' 

VIEW 'E-E* 


K.TJS. 



No. DoU Xnbxxi 


The 


PLATE COWECTOft 
T*U ALW-3 7/8-SSP 
OR APWWVEO COUAL , 



XUWC OWMCL 
CMMWX BOLT 

HUT, 

/ >. ' ZNC ftATED 


BONOMQ JUWPER 
T*M At»~«00-flJ OR 
APPROVED EQUAL 


DETAt 2 - CABLE TRAY CONNECTION 


MS. 


STANDBY POWER 
S WORLD TRADE CENTER 

COMMUNICATIONS 


DETAILS-! 


I¥*, * W {P» ***** * h «w4nKL 

Ai fr«w«sM, UMa. teigna and hmOm* 
h«!rt ori n-lM to Pod Authority 'or* 


D.S.A-C 


RAt 


D.S.A-0. 


CM* 

Contract Numbtr 

WTC-84S.071 


ScoAt AS NOTED 
Dravtna Numbtr 

E-807 


